
SMOKE DETECTION PANEL XL No. 5 SCHEDULE f A' (SINGLE ADDRESS INPUTS) 


INPUT 


ADDRESS 


05 not 


051102 


05 11 03 


INITIATING 

DEVICES 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


AREA SMOKE DETECTOR 


051104 DUCT SMOKE DETECTOR 


051 105 


AREA SMOKE DETECTOR 


05 1 106 


DUCT SMOKE DETECTOR 


051 109 


051 1 10 


OEM 19 
V 1 I l£- 


051 1 13 


Q5A 1 14 


051 1 15 
05 11 16 


DUCT SMOKE DETECTOR 


AREA SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


0511 17 


DUCT SMOKE DETECTOR 


051 1 18 


0511 19 


051 120 


051 121 


05 1 1 22 


051 123 


051 124 


051 125 


051126 


DUCT SMOKE DETECTOR 


AREA SMOKE DETECTOR 


AREA SMOKE DETECTOR 


AREA SMOKE DETECTOR 


AREA SMOKE DETECTOR 


AREA SMOKE DETECTOR 


MANUAL PULL STATION 


MANUAL PULL STATION 


MANUAL PULL STATION 


051201 


051202 


051203 


AREA SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


051204 


051205 


051206 


05 I 207 


051208 


051209 


051210 


AREA SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


AREA SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


AREA SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


05121 1 


051212 


051213 


AREA SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


051214 
051215 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


051216 


051217 


051218 


051219 
051220 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


DUCT SMOKE DETECTOR 


AREA SMOKE DETECTOR 


AREA SMOKE DETECTOR 


OUTPUT 


ANNUNCIATOR 
MESSAGES 


E-41-15 EXH. FAN SHUTDOWN TWR i 


ACTIVATED 
RELAYS 


POX-28-103 


E-41-18 EXH. FAN SHUTDOWN 


ACS-41-15 AREA ALARM 


ACS-41-15 DUCT ALARM 


ACS-41-4 AREA ALARM 



ACS-41-4 DUCT ALARM 

ACS-41-8 AREA ALARM 
ACS -4 1-8 DUCT ALARM 


POX -29-1 12 


POX-22-044 


ACTIVATED HVAC 
EQUIPMENT 


E-41-15 SHUTDOWN 


E-41-18 


POX-20-021 


ACS-41-1Z 

ACS-41-12 DUCT ALARM 
ACR-4 1-12 SHUTDOWN 



ACR-41-11 SHUTDOWN 


ACRt41-10 SHUTDOWN 


E-41-21 EXH FAN SHUTDOWN 


SMOKE IN TEL CLOS 40 SW 
SMOKE IN TEL CLOS 43 SW 


SMOKE IN SUB 4 IS 


PULL STATION IN SUB 4 IS 


POX-2 1-031 


ACS-41-15 


ACS-41-4 


ACS-41-8 


POX-22-04 1 


GROUP A 


ACS-41-12 


GROUP A 


POX-30-121 


SPX-13-014 


ACS-41-3 AREA ALARM TWR I 


ACS-41-3 DUCT ALARM 


ACS -4 1-11 AREA ALARM 


ACS-41-1! DUCT ALARM 


ACS-41-7 AREA ALARM 


ACS-41-7 DUCT ALARM 


ACS-41-14 AREA ALARM 


ACS-41-14 DUCT ALARM 


ACS-41-16 AREA ALARM 


ACS-41-16 DUCT ALARM 


ACR-41-9 SHUTDOWN 


ACR-41-8 SHUTDOWN 


ACR-41-7 SHUTDOWN 


POX- 19-0 14 


POX-2 1-034 


POX-20-024 


POX-22-043 


POX-23-05 1 


SMOKE IN TEL CLOS 40 SE 
SMOKE IN TEL CLOS 43 SE J 


GROUP A 


GROUP 
A 


E -41-21 


ALARM STATIONS 


ACS-41- 3 SHUTDOWN 


ACS-41-1 1 


ACS-41- 7 


ACS-41-14 


ACS-41-16 


GROUP A 


* 


POX-25-073 

ACR-4 1 

- 7 

POX-25-074 

ACR-4 1 

- 8 

POX-26-081 

ACR-4 1 

- 9 


Ar.R-4 1 

- to 

POX-26-083 

ACR-4 1 

-11 

POX -26 -084 

ACR-4 1 

-12 

POX- 19-0 14 

ACS -4 1 

-3 

POX-20-02 1 

ACS -4 1 

-4 

POX-20-024 

ACS-41 

-7 

POX-2 1-031 

ACS-41 

-8 

POX-2 1-034 

ACS-41 

-11 

P0X-Z2-04 1 

ACS-41 

-12 

POX-22-043 


- It 

POX-22-044 

ACS-4 1 

-15 

POX-23-05 1 

ACS -4 1 

-16 


SHUTDOWN 


SMOKE DETECTION PANEL XL No. 5 SCHEDULE 'A' 

(SINGLE ADDRESS INPUTS) 


INPUT 

OUTPUT 

ADDRESS 

INITIATING 
DEVICES 

ANNUNCIATOR 
MESSAGES 

ACTIVATED 
RELAYS 

ACTIVATED HVAC 
EQUIPMENT 

051301 

AREA SMOKE DETECTOR 

ACS-41 -13 AREA ALARM TWR 

I 

POX-22-042 

&r^-A 1 - 1 ^ swiiTnnwN 

051302 

DUCT SMOKE DETECTOR 

ACS-4 1-13 DUCT ALARM 




051303 

AREA SMOKE DETECTOR 

ACS-41- 5 AREA ALARM 


POX-20-022 

ACS-41- 5 


051304 

DUCT SMOKE DETECTOR 

ACS-41- 5 DUCT ALARM 



051305 

AREA SMOKE DETECTOR 

ACS-4 1-9 AREA ALARM 


POX-2 1 -032 

ACS-41- 9 


051306 

DUCT SMOKE DETECTOR 

ACS -4 1 —9 DUCT ALARM 



051307 

AREA SMOKE DETECTOR 

ACS-41-1 AREA ALARM 





051308 

DUCT SMOKE DETECTOR 

ACS-41-1 DUCT ALARM 



POX- 19-0 12 

ACS-41- 1 


051309 

DUCT SMOKE DETECTOR 






051310 

DUCT SMOKE DETECTOR 

ACR-4 1-1 SHUTDOWN 






0513 11 

DUCT SMOKE DETECTOR 






051312 

DUCT SMOKE DETECTOR 

ACR-4 1-2 SHUTDOWN 



GROUP B 

GROUP B 


051313 

DUCT SMOKE DETECTOR 




051314 

DUCT SMOKE DETECTOR 

ACR-4 1-3 SHUTDOWN 






051315 

DUCT SMOKE DETECTOR 






051316 

DUCT SMOKE DETECTOR 

E-41-20 DUCT ALARM 


POX -29 -M 4 

E-4 1 -20 


051317 

AREA SMOKE DETECTOR 

SMOKE IN TEL CLOS 40 NW 




051318 

AREA SMOKE DETECTOR 

SMOKE IN TEL CLOS 43 NW 




051319 

AREA SMOKE DETECTOR 







051320 

AREA SMOKE DETECTOR 

SMOKE IN SUB 41N 






051321 

AREA SMOKE DETECTOR 




SPX- 14-024 

ALARM STATIONS 


051322 i 

MANUAL PULL S 1 A 1 ION 





051323 

MANUAL PULL STATION 

PULL STATION IN SUB 41N 






05 1324 

MANUAL PULL STATION 












051401 

AREA SMOKE DETECTOR 

ACS-4 1-10 AREA ALARM TW 

R 

1 

POX-2 1-033 

AOS -4 1-10 SHUTDOWN 

051402 

DUCT SMOKE DETECTOR 

ACS-4 1-10 DUCT ALARM 






051403 

AREA SMOKE DETECTOR 

ACS-4 1-6 AREA ALARM 


POX-20-023 

ACS-41- 6 


051404 

DUCT SMOKE DETECTOR 

ACS-4 1-6 DUCT ALARM 



051405 

AREA SMOKE DETECTOR 

ACS-4 1-2 AREA ALARM 





05 1 406 

DUCT SMOKE DETECTOR 

ACS-4 1-2 DUCT ALARM 


POX- 19-0 13 

ACS-41- 2 


051407 

DUCT SMOKE DETECTOR 





051408 

DUCT SMOKE DETECTOR 

ACR-4 1-4 SHUTDOWN 





051409 

DUCT SMOKE DETECTOR 





051410 

DUCT SMOKE DETECTOR 

ACR-4 1-5 SHUTDOWN 


GROUP B 

GROUP B 


05141 1 

DUCT SMOKE DETECTOR 



0*n 14 IP 

WW It lb 

DUCT SMOKE DETECTOR 

ACR-4 1-6 SHUTDOWN 





\JO I 4 * 13 

UUv 1 OMwrVC I C,^ 1 vl\ 





051414 

DUCT SMOKE: UtltClUK 

E-41-19 EXH FAN SHUTDOWN 


POX-29-1 13 

1 V/ f\ tew I 1 W 

E -41 -19 







POX-29-1 1 1 

E -41 -17 


05 14 15 

DUCT SMOKE DcTtCl OR 

E-41-17 EXH FAN SHUTDOWN 



POX-22-044 

ACS-41-15 
ACS-41-16 


051416 

DUCT SMOKE DETECTOR 

E-41-16 EXH FAN SHUTDOWN 


POX-28-104 

E -41 -16 

1 

051417 

AREA SMOKE DETECTOR 

SMOKE IN TEL CLOS 40 NE [ 



AC < i 40 

a DC A QkJYMlP HFTPPTHP 
ArtfcA OMwr\C UC 1 CI* 1 UK 

SMOKE IN TEL CLOS 43 NE * 








POX -24-06 1 

ACR-4 1- 1 SHUTDOWN 






POX-24-062 

ACR-4 1- 2 







POX-24-063 

ACR-4 1- 3 







POX-24-064 

ACR-4 1- 4 







POX-25-07 1 

ACR-4 1- 5 







I vn i» ^ v • £. 





GROUP 

POX- 19-0 12 
POX- 19-013 

ACS-41-1 
ACS-4 1-2 





D 

POX-20-022 

ACS-4 1-5 







ruA"tv"vc;o 

A _ J 4 _J5 








ACS-4 1-9 







P)/^ V — "^ 1 

ACS-4 1-10 







v _ *> ? ~r\ a y 
rvA- CC—KJHC. 

* 

ACS-4 1-13 ' 


052101 

TAMPER SWITCH 

TAMPER SWITCH 41 MER TWR 


1 

N/A 

N/A 


\A/ATCD PI A\W <5\A/lTri4 

WATER FLOW 41 MER 


N/A 

N/A 

052103 

PURGE SWITCH 41 NE 

PURGE SWITCH ON 41 NE 


N/A 

N/A 

052104 

PURGE SWITCH 41 NW 

PURGE SWITCH ON 41 NW 


N/A 

N/A 

052105 

PURGE SWITCH 41 SE 

PURGE SWITCH ON 41 SE 


N/A 

N/A 

052106 

PURGE SWITCH 41 SW 

PURGE SWITCH ON 41 SW 1 


N/A 

N/A 
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